were footprints within 17   inches and  the assembly was  six  to
seven inches above ground  level   (Tr.   19).     In this area and in
the previously cited areas  an employee could contact the  pinch
points without tripping or  lunging   (Tr.   19).

Citation  583698

This citation alleges  a violation of  Title 30,   Code  of Federal
Regulations,   Section 56.12-13 (b) .     The cited  section  in full provides
as follows:

56.12-13 Mandatory.     Permanent splices and
repairs made  in power cables,   including  the
ground conductor where provided,   shall be:

(a)  Mechanically strong with  electrical
conductivity as near as  possible to that of
the original;    (b)   Insulated to a degree at
least equal  to  that of  the original,   and
sealed to exclude moisture;   and   (c)   Provided
with damage protection as near as possible
to that of the original,   including good
bonding to the outer jacket.

Inspector Wilson observed and photographed certain uninsulated
electrical wires at the worksite.     Bare metal was  showing  in more
than one place   (Tr.   20-24,   Exhibits 4-9).     This condition was
adjacent to a travelled walkway   (Tr.   24).     The upper wire on
Exhibit 8  was 53  inches above the ground   (Tr.   24).

Citation  583699

This citation alleges  a violation of  Title 30,  Code of Federal
Regulations,   Section 56.4-24(b),  which provides:

56.4-24 Mandatory.     Fire  extinguishers
and fire suppression devices   shall be;

(b)  Adequate  in number and size for the
particular fire hazard involved.

Inspector Wilson could not locate any fire extinguishers on
the property   (Tr.   26,   27).     Any fire would not be controlled.
(Tr.   26).

Inspector Wilson would not consider  this violation as  significant
and substantial if he was writing the  citation on  the day of the
hearing   (Tr.   27).
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